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SEE FIRE 



FIRE 
ON 



CENTO* 
LEVEL- 


4 


PLENUM AREA. 
SECURE CONDUIT 
TO WALL BELOW 
EX. CONDUIT RUNS 



SEE 
PAST PLAN 



r 



STATION PLAN 



P 2\ CONCOURSE LEVEL - PART PLAN 


32 


64 


SCALE IN FEET 

FIRE COMMAND STATION 
CONSOLE ON CONCOURSE 
LEVEL ^ 

PULLBOX (¥T~- 
( TYPICAL) 


1 1/2" UP TO FCC 
CONSOLE. SEE FCC PLAN 

ROVIDE CONDUIT 
ANGERS AND 
UPPORTS EVERY 
[10' O.C. MAXIMUM 
N STOCK ROOM 


STOCK ROOM 


SUBSTATION 
"SS-PA* 


o 


0 

j 12 x12"x 
] PULLBOX 
(TYPICAL) 



PLENUM AREA 

SECURE CONDUITS 
ON WALL 

BELOW EX. CONDUITS 





CORE DRILL THROUGH 
FLOOR SLAB UP INTO 
CONSOLE 


CONDUIT. SEE SUBGRADE 
'Bf LEVEL - PLAN 


EMER. PNLBD #2 
SEE RISER DIAGRAM 
ON DWG. E-3 


Pi 4 \ SUBGRADE 'Bf LEVEL - PART PLAN 


15-1/C#10, 1-1/C#10G ( 
8~1/C#10 IG IN 1 1/2"C. 
AND S-t/C#10, 1~1/C#10G. 
4-1/C#10 IG IN 1 1/4X. 
TO FIRE COMMAND 
CENTER CONSOLE. 3 
ROUTE VIA EX.- CONDUIT 
RACK U.O.N. SEE RISER 
DIAGRAM ON DWG. E-3 
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ROUTE VIA EX. RACKS 

IN Ci 


LING 


| — rP s 



TELEPHONE 
CLOSET 




n@ r£ n© 

1 1/2"C. WITH DRAG LINE FOR 
FUTURE TELEPHONE CABLE 

TERMINATE ABOVE TTB AT CLG. 



P 3 \ SUBGRADE 'BT LEVEL - PLAN 


16 


32 


SCALE IN FEET 


ROUTED IN SPACE BELOW FACP's 



32 


64 


SCALE IN FEET 


TOWER 1 





NOTE 3 

LEGEND ON 
G E-3 (TYPldAL) 


12"x12lx6 



.O.N. SEE I.G. RECEPTACLE DETAIL 
ON DWG. E-3. SEE GENERAL NOTE 
9 ON DWG. E-1<TYP.) 


PROVDE 6- TELEPHONE 


M 


SOLE 


<JAC<S 




EXiST FIRE CONTRa PANELS 
ENCASED IN MARBLE CLAD 
PANELS 




ADIAN 
NDER 


(|TYP. FOR 3) 
NOTE 4 


PLUG 


N 


DESK HTR. 


2-1 l/^C. FOR DATA AND 
POWER 'VIRING TO PRINTERS 
(VIA SUUGRADE) - 



CONSOLE 
INTERNAL 
WIRING 


CKT. #11 
& BALLAST 60X 


o o o 




22 


FA 


CONTRpL WIRING TO FlCC CONSOLE Ifsi 1*0. EMBFODED IN 
SLfcB BELOW GRAIHITE FLOOR. AT CONSO.E ROUTE WIRING TO 
NCC's VIA CABLE TRAYS. SEE SECTION 1 DWG. E-5 AND 
ARlCHITECTlURAL DWGS. SEE GENERAL NO HE 8, DWG. E-1. 


SEi: SUBGRADE 'B 
PLmNS P3 
FOR CONTI 



LEVEL 
*-P4'lhlS DW$ 
UATION 


1 



12 M x12 M x6 w TELEPHONE 
8"x8+x4 w EM:R. POVER TO 
10x1O M x6* EWER. POWER 

m 

IN 1 "C 


3-1/fC#10, 1 



JPS's 


RECEPTACLE AND FLEXIBLE METAL CONDUIT 
LOCATED BELOW COUNTERTOP. SECURE TO 
REAR PLYWOOD PANEL OF CABINET(TYPICAL) 


F^E COMMAND CONSOLE 



ELEVATOR STARTER CONSOLE 


NOTES; 

1. ROUTE ALL POWER TELEPHONE CKTS. IN CONSOLE IN FLEXIBLE 
METAL CONDUIT FROM JUNCTION BOX VIA CABLE TRAYS TO 
RECEPTACLES / OUTLETS AS NOTED. SEE PANELBOARD 
SCHEDULE AND SECTION ON DWG. E-5. SEE WIRING DIAGRAM 
ON DWG. E-10. 

2. SEE DWG E-3, D4 FOR REMOVALS AND RELOCATION WORK. 

3. TWO 1 t/2"C. W/ DRAG LINE FOR FUTURE GLOBAL NETWORKING 
CABLE. CORE DRILL THROUGH FLOOR INTO SUfeGRADE. ROUTE 
CONDUITS TO {ACCESSIBLE LOCATION IN PLENUM BELOW AND 
TERMINATE. 

4. QUAD GP RECEPTACLE, 1 -PHONE SET AND 2 SPARE PHONE 
JACKS ON CONSOLE FACE (TYPICAL) 


MARBLE CLAO PARTiTtON 
5-0" HIGH 



,-.;2-1/C#10 IG IN 3/4 w FMC 



FIRE COMMAND CENTER - PLAN 
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THE FAST* 
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SCALE IN FEET 




LEVEL 
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TOWER ONE 
KEY PLAN 

(SEE DWGS. T~2 k T-3) 
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